INSTALL CND. CONNECTOR 



EXIST 5" COT. 

EXIST. COT. GNO. 
CONNECTOR 


#1/0 GNO. WKt 


j • 4' COT. 
% • COT Cf iQ 8USH ~ 
/ !• /I/O CNO WIRE *■ 

REMOVE EXIST 
AND INSTALL 


TO CND. STRAP 
ON SPUCE 



Pf- BSC \ PF-87C 
PF-B6C — — ^ PF-B6C- 


^#1/0 CND.'WIRE 
TO CND. 8US 



4 & 5 


CONNECT TO EXIST. 
CNO. WIRE 


EXIST. #1/0 GNO. WIRE 


4" COT. TO SWGR. 


3-1/C 350UCM. 15KV. 
& 1 #1/0 CND. (CU.) 


#1/0 GNO. WIRE. SEE 
SPLICE CABINET GNO. 
CONNECTION DIAGRAM 


SECTION fl-n 


y-z 3 & a •* 


EXIST 15KV 
SPtCE CABINET 


EXIST. CDT. CND. 
CONNECTOR 


EXIST. 5' CDT. 


STEPS REQUI RED FOR 1SKV 


SPUCE CABINET GROUND mN NECTION MARBAU 

TYPICAL FOR STEP 3 & £ 
HOT TO SCALE 


FEEDER INSTALIATTON 

J_ - DE-ENERGIZE FEEDER. 

2-. - REMOVE EXIST. ARCPROOFING. 

- BREAK EXIST. SPUCES (3) AND 
DISCONNECT GND. WIRE AS REO'D. 

A. - REMOVE EXIST. CONDUIT 3c WIRE TO 
1500KVA TRANS'F. SWITCH. 

£_ - INSTALL CONDUIT te. WIRE TO 
2000KVA TRANS'F. BKR. HV-B. 

£_ - RE-MAKE SPUCES (3) AND CONNECT 
GND WIRING AS SHOWN. (REMOVE 
BARRIER !F REQ'O.) 

1— ~ WAKE CONNECTIONS AT 2000KVA. 
TRANS'F. BKR. HV-8. 

- INSTALL ARCPROOFING. 

SL ~ TEST FEEDER AND RE-ENERGIZE. 


"V SPUCE - (3) 

C SCREW COVER 

J CABLE TERMINATOR 
M ARMOR CABLE SUPPORT 
(ground CLAMP 

EXIST. 



EXIST. S* COT., 
1-3/C - 250MCM 
15KV ARMORED 
RISER CABLE 


/ GROUND CLAMP 

■ARMOR CABLE SUPPORT V EXIST. 

CABLE TERMINATOR 


REMOVE EXIST. & 
INSTALL CABLE SUPPORT 


REMOVABLE 
BARRIERS 


EXfST. 3 
250MCM 1_ 
CABLE (AL) 


\&\z & 


& COVER REMOVED 


EXIST. 5" COT., 
1-3/C - 250MCM 
15KV ARMORED 
RISER CABLE 



EXISTING I5KV. 
(AL) RISER CABLE 
TO SUBSTATION 
#SS-108E 

EXISTING ST E.C. 


NOTES 

1. - fOR LEGEND SEE DWG. £-1, FOR 

GENERAL NOTES, ABBREVWTIONS 
AND UCHTJNC FIXTURE SCHEDULE 
SEE DWG. E— 2. 

2. - FOR SEQUENCE OF INSTALLATION SEE 

OWC. #E-2. 

™ *ORK PREFORMED ON SUBSTATION 
SS.-75E IN CTACE U & TU SEE THE 
FOLLOWING DRAWINGS: 


■S-SL 
DWG 
OWC 


fE-90 - LOAD ■ 


SUBSTATION 
TRANSFER 


EXIST. 15KV. 
SPUCE CABINET 


COVER ON 


SCREW COVER 


OWG 
OWC 


.gTACf TTT ftWY, 


fE^-6 
IE-91 


TYPICAL SUBSTATION 
LOAD TRANSFER 


DWG 
DWG 
DWG 
DWG 
DWG 
DWG 
OWG 


COMBNTO fTAT.fr ft * m 
: £-53 (THIS OWC) S 
E-84 - 480V ONE 


.THIS DWG) SWGR. EQUIP. 
,-84 - 480V ONE LINE DIAGRAM 
-85 - CDT. & CABLE SCHED. 
.-86 - SWGR. EQUIP. PLAN 
-87 - 75lh FL CTRL COT 
:-88 - 75th a CDT LAYOUT 
89 - 7601 a COT LAYOUT 


SECTION A— A 
NOTE: PF-B5, B6. & B7 ARE TYPICAL 


PROMT Fl FVATinN, 


75th FL. 


EXISTING 5" E.C. 


EXISTING 15KV. (AL.) 
RISER CABLE FROM 
SUBSTATION SS-41E 


I5KV. SPUCE CABINET 

0 ' 2 3 4 5 
SCAIE IN FEET 


EXJSTIKC 3/C 2S0MCM I5KV 
ARMOREO RISER CABLE (AL) 
TO SUBSTATION |SS-!Q8e' 


SEE NOTE ti 


V SEE STAGE n 
1 DAC #E-5 


| SEE STAGE m 
1 DWC #E-6 



- STEP® 

& 

© 

PF-RRr 

- STEP® 

& 


PF-85C 

- STEP® 

& 

© 

PF-RfiC 

- STEP® 

& 



EXISTBJC I5KV SPLICE CABINET 
SEE DETAIL *A" THIS OWC.- — 


SEE DWC- #£-83 
COT. LAYOUT 


} 


75th a 


Sheet 169 Of 224 



iHEPDCTMmmmnr 


ENC-WEERJW PROGRAM 
WORLD TRADE CENTER 



MANAGER 


li. 


cmiCAL ENGINEER ~7" 



1 ngi iee; ing 


I eui ;n «vi ion i 


'he 


erUe 


Be Jar me it 


efT~ 


5" E.G. 


• Pr-fifSCTTMP 
TO EXIST. TR-5 


PF-B6C-TFMP. 
TO EXIST. TR-6 


■ PF— B8C—TFUP. 
TO EXIST. TR-8 


Title 


./—REMOVE *" C. 3 - i/C 250MCM 
I5KV. (AL) TO EXIST. 1500KVA 
TRANSF PRIMARY DISC. SW. 


i I I 


EXISTING 3/C 2WUCM 15KV. 
*RWOR RISER CABLE (AL) 
FROM SUBSTATION 
SS-4IE — — — — 



V 


.1 


■ I 

r 


r 


EXISTING 4000A COLLECTOR 
BUS AT EXIST. SWITCHGEAR 
SEE SECTION D-0 DWG #E-86 


K E 5XS! RT,FY mAT ™ f S A TRUE ANO CORRECT 
SS^,91 ONE W m CONTRAa DRAWINGS CON- I . 

snTtmNG a part of contract Na/y72^^fi& /TOWER ONE AND TWO 

KIpawe? ^ CONIRACT WAS EXECUTEO BY LOW VOLTAGE 

conSoTand 

\>£)£Z~y INSTALLATION 
^ ELECTRICAL 

SUBSTATION SS-75E 
STAGE H ANO HE 
SWITCHGEAR EQUIPMEtslf 
RISER DIAGRAM 


S" EC. 







' 1 1 11 
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